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GENERAL 
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ACC 


AD 
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AP 


AS 


ATC 


CFM 


CO 


CP 


DB 


EAT 


EC 


ET 


EWT 


GC 


AIR COOLED CHILLER 


ACCESS DOOR 


ABOVE FINISHED GRADE 


ABOVE FINISHED FLOOR 


ACCESS PANEL 


AIR SEPARATOR 


TEMPERATURE CONTROL CONTRACTOR 


CUBIC FEET PER MINUTE 


CLEAN OUT 


CONDENSATE PUMP 


DRY BULB TEMP. DEGREES F. 


ENTERING AIR TEMP. DEGREES F. 


ELECTRICAL CONTRACTOR 


EXPANSION TANK 


ENTERING WATER TEMP. DEGREES F. 


GENERAL CONTRACTOR 


GPM 


HVAC 


LAT 


LWT 


MAX 


MIN 


OA 


0 

^C 


PD 


VFD 


WB_ 


GALLONS PER MINUTE 


HEATING, VENTILATING & AIR 


CONDITIONING CONTRACTOR 




LEAVING AIR TEMP. DEGREES 

F. 




LEAVING WATER TEMP. DEGREES 

F. 


MAXIMUM 



MINIMUM 




OUTSIDE AIR 



PUMP 



PLUMBING CONTRACTOR 


PRESSURE DROP (FEET OF WATER) 
VARIABLE FREQUENCY DRIVE 


WET BULB TEMP. DEGREES F. 


CHWS' 


•CHWR- 



CHILLED WATER SUPPLY 


CHILLED WATER RETURN 


HOT WATER SUPPLY 


HOT WATER RETURN 


PITCH DOWN IN DIRECTION OF ARROW 


DIRECTION OF FLOW 


EQUIPMENT DESIGNATION 






THERMOSTAT - MOUNT 48” A.F.F. 


SENSOR THERMOSTAT - MOUNT 48” A.F.F. 


REMOTE SET POINT SPACE 
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TEMPERATURE CONTROLLER 



STATIC PRESSURE SENSOR 




REVERSE ACTING THERMOSTAT 


-CXF 


dX> 


—I § I— 
—t>£a— 






O/ 




TO 



GATE VALVE 





GATE VALVE W/ HOSE BIBB END 




BALANCING VALVE 




BUTTERFLY VALVE 




2-WAY CONTROL VALVE 


”Y” STRAINER 



”Y” STRAINER W/ BLOW DOWN, H.W. SYSTEMS 

PIPE ANCHC 

PIPE GUIDE 

>R 


FLOW MEASURING DEVICE 


AUTOMATIC AIR ELIMINATOR 


MANUAL AIR ELIMINATOR 


IOI 


-D 

O 


O 
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mm 


BALL VALVE 


PIPE TURN AWAY 




PIPE TURN TOWARDS 



UNION 


CONCENTRIC REDUCER 


ECCENTRIC REDUCER 



CAPPED PIPE 


SIDE CONNECTION 

] 


BOTTOM CONNECTION 45 OR 90 DEGREES 


TOP CONNECTION 45 OR 90 DEGREES 



COMBINATION BALANCING SHUT-OFF 



EXPANSION COMPENSATOR 


AIR COOLED CHILLER UNIT SCHEDULE 


item! 


ACC—1 


ACC- 


MFG’R 


© 


TRANE 


TRANE 


MODEL 


RTAC 155 


ACR 150 


NOM. 


CAL 


TONS 


155 


150 


R 



135 


135 


AMBIENT 


TEMP. 


95.OT 


95.OT 


REFRIG. 


TYPE 


R—134a 


R—134a 


COMPRESSOR DATA 


NO. 


RLA 


33/113 


111.0 


LRA 


285/252 


N/A 


CONDENSER FAN DATA 


NO. 


11 


LRA (EA) 


2.70 


2.70 


FLA (EA) 


N/A 


N/A 


CHILLED WATER 


GPM 


285.8 


285.8 


EWT 


57.0'F 


57.0'F 


LWT 


45.0‘F 


45.0‘F 


PD 


5.68’ 


8 . 15 ’ 


ELEC 


VOLTS 


460 



460 



RICAL DATA 


HZ 


60 


60 


MCA MOCP 


315.0 


275.0 


400.0 


350.0 


INPUT 


kW 


159.3 


158.4 


IPLV 


(EER) 


14.60 


19.91 


SOUND DATA 


SOUND PRESS. dB(A)@30’ 


72 


68 


(REMARKS 


ALTERNATE #1 


© (ACCEPTABLE ALT. MANUFACTURERS: Y0RK/JCI, DAIKIN OR APPROVED EQUAL. 


CHILLER SHALL BE FURNISHED WITH UNIT MOUNTED DISCONNECT AND SERVICE OUTLET. 


FIBERGLASS INSULATION 
W/UV STABILIZED PVC JACKET 
(TYP) IN ACCORDANCE WITH 
SPECIFICATIONS 


PIPE SADDLE (TYP) 


THREADED ROD (TYP) 

FURNISH AND INSTALL 
GALVANIZED CHANNEL 
STRUT (TYP) 


MIFAB C-PORT (OR APPROVED 
EQUAL) RUBBER BASE(S) 
ROOFTOP SUPPORT (TYP) 



ROOF 


- PROTECTIVE RUBBER 
ROOFING MEMBRANE 


ROOF 


REFER TO SPECIFICATION 
FOR ADDITIONAL INFORMATION 




ROOF MOUNTED PIPE SUPPORT DETAIL 

N.T.S. 


AIR COOLED CHILLER DETAIL 

(N.T.S. 
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